
5-4" CONDUITS, 
4I500KCUL. * 
1#4/0 GNO RISER 


SPUCE BOX 
(TYPICAL). 


EXtSTMC ORMN PlPMG 
TO BE RELOCATED. 
COORDINATE WTH 
PORT AUTHORITY 
MECHANICAL DOCUMENTS 

CABLE TAP BOX. 


SEE RCER* OWG. £-23 ft 
DWG E- 18 FOR CONTINUATION. 

DOWN) TO CIRCUIT BREAKER 
185-1. SEE SCHEDULE 
ON THIS DRAWWG FOR 
FEEDER SIZE 

EXtSTMC 120/208V 
8USWAY TO REMAIN 

2000A COPPER BUSWAY. SEE 
GEN. NOTE #7. DWG £-1. 

1#4/0 TO BUNDING 
GNO RISER 

REROUTE NEW CONDUIT 
ft CONDUCTORS OVER 
BUSWAY ft CABLE TAP 
BOX. MATCH EXIST CONDUIT 
ft CONDUCTORS 

EXIST CONDUIT ft 
CONDUCTORS TO 
REMAIN 


STRUCTURAL 
TRUSS 


CEILING 
CONSTRUCTION 


SHEETROCK 


EXISTING 
DOOR 


84 WEST PLAN 



DISCONNECT ft REMOVE EXISTING 

BREAKERS. (SEE BUSWAY SWITCH 
REPLACEMENT SCHEDULE, TWS 
DWG). TURN OVER PLUG M FUSED 
TO THE PORT AUTHORITY. 


SPECIAL OFFSET 
CABLE TAP 
BOX IN HUNG 
CEIUNG AREA 


EXISTING BUSWAY 
TO REMAIN* 

TRANSITION BOX. 


TO EXIST LIGHTING PANEL 


20OOA COPPER BUSWAY. SEE 
GEN. NOTE #7. OWC E-1. 

SEE GENERAL NOT£#9. 
DWG E-1. 


mm ay switch replacmmit ******* * 

# 

EXST. SW. 

EXIST. FUSE 

mm 

NEW BREAKER 

NEW 

NEW 

REMARKS 

S5W-1 

200A 

12SA 

229AF/129AT 

4f 1 CU 

i Vsr 


HJW-1 

200A 

200A 

22SAT/2O0AT 

Wo CU 

T 


U-^ 

2O0A 

125A 

229AF/12SAT 

4|1 CU 

i Var 


WW-3 

20QA 

20DA 

22SAF/20QAT 

4#3/0 CU 

r 


SSW-1 

200A 

2O0A 

223AT/200AT 

4#3/0 CU 

T 


»W-2 

2O0A 

12SA 

223AF/125AT 

4#1 CU 

1 s fT 



5-*" CONDUITS. — 
4#500KCUJU ft 
1#4/0 GNO RISER 


SHAFT 


£LOj&I 


ELEVATOR 
PE #19 


SHAH 


EXISTING LIGHT -p 
FIXTURE TO I 
REMAIN I 


REROUTE TO — 
EXIST SERVICE 

CABLE TAP 
BOX. 


I I CUT ft REMOVE - 
EXIST CONDUITS 

STRUCTURAL 

TRUSS 



SEE RISER DWG £-23 ft 
DWG E-18 FOR CONTINUATION. 


DOWN TO CIRCUIT BREAKER 
#65-1. SEE SCHEDULE 
ON THIS DRAWING FOR 
FEEDER SIZE 


, — DOWN TO CJRCUfT BREAKER 
#65-2. SEE SCHE 


, _ _ ___ SCHEDULE 
ON THIS DRAWING FOR 
FEEDER SIZE 

-2000A C09PER BUSWAY. 
SEE GEN. NOTE #7. 
DWG. E-1. 

-1#4/0 TO BUILDING 
GNO RISER 

REROUTE CONDUITS 
ft CONDUCTORS BELOW 
BUSWAY. MATCH EXIST. 
CONDUIT ft CONDUCTOR 
SIZE. 

EXISTING CONDUITS 
TO REMAIN 


SPLICE BOX 
(TYP). 


65 WEST PLAN * 


REMOVE EXtSTMC 16GOA 
ALUMMUM BUSWAY. SEE 
GEN. NOTE #13 ft 14 DWG E-1. 

REMOVE 1 EXtSTMC PLUG-IN SWITCH 
FROM EXtSTMC BUSWAY ft REINSTALL 
AFTER MSTAUATIOM OF REPLACEMENT 
BUSWAYS, REPLACE EXtSTMC PANEL 
FEEDERS AS REQUIRED. 
1600A. 480/277V 
ALUMINUM, PAIRED PHASE 
BUSWAY TO MATCH EXSTtNG 
FEDERAL PACIFIC BUSWAY. 

EXISTING BUSWAY 
TO REMAM (TYP) 

04th floor 


1. SEE DRAWHG £-1 FOR BUSWAY SCHEDULE ft GENERAL NOTES. 

2. INTERCEPT EXISTING TENANT FEEDERS. FOR MTH FLOOR TENANT 
SPACE AT EXISTING PULLBOXES M ELEC CLOS AND REFEEO TO 
NEW SWITCHES. 


84th FLOOR SECTION A-A 
& PART RISER 


EXISTING 1600A 
BUSWAY TO 
REMAIN. 

REMOVE 3 EXIST PLUG-IN 
DISC. SWITCHES ft RE-INSTALL 
AFTER COMPLETION OF ELEC. 
CLOSET WORK. 


UTILIZE EXISTING 
BUSWAY FLOOR 
SUPPORTS. 


DISCONNECT ft REMOVE EXISTING 
PLUG M FUSED SWITCHES AND 
REPLACE WITH PLUG IN CIRCUIT 
BREAKERS. (SEE BUSWAY SWITCH 
REPLACEMENT SCHEDULE, THIS 
DWG). TURN OVER PLUG IN FUSED 
SWITCHES TO THE PORT AUTHORITY, 


SPECIAL OFFSET 
CABLE TAP 
BOX IN HUNG 
CEILING AREA 


CEIUNG 
CONSTRUCTION 

SHEETROCK 


EXISTING 
DOOR 


TRANSITION 



HOLLOW BUSWAY 
ENCLOSURE TO ATTACH JO 
EXISTING BUSWAY 
STRUCTURAL SUPPORT. 
CAP EXISTING BUSWAY. 

fiZttL-ELQOR 


CAP BUSWAY 
TO TENANT SPACE. 

TO EXIST LIGHTING PANEL 

TO TENANT SPACE. 
■TO TENANT SPACE. 

86th. FLOOR 


DISCONNECT ft REMOVE EXISTING 
PLUG W FUSED SWITCHES AND 
REPLACE WITH PLUG M CIRCUIT 
BREAKERS. (SEE BUSWAY SWITCH 
REPLACEMENT SCHEDULE, THIS 
DWG). TURN OVER PLUG M FUSED 
SWITCHES TO THE PORT AUTHORITY. 

TO EXIST LIGHTING PANEL. 

2000A COPPER BUSWAY. SEE 
GEN. NOTE #7. DWG E-1. 

REMOVE EXISTING 1600A ALUMMUM BUSWAY. 
SEE GENERAL NOTE #13 ft 14 ftG E-1. 

65th FLOOR 


r 


\ 


OWE WORLD _ 
JBAflE (g) 


HP 


r 


1600A, 480/277V 
ALUMMUM, PAIRED PHASE 
BUSWAY TO MATCH EXISTING 
FEDERAL PACIFIC BUSWAY. 


SEE GENERAL NOTE#9. 
DWG E-1. 


REMOVE 2 EXIST PLUG -IN SWITCHES 
FROM EXtSTMC BUSWAY ft REINSTALL 
AFTER MSTAUATIOVI OF REPLACEMENT 
BUSWAYS, REPLACE EXtSTMC PANEL 
FEEDERS AS REQUIRED. 


EXIST 16COA BUSWAY 
TO REMAIN (TYP) 

64th FLOOR 


• SHAFT ft 
ELEC. CL 
AREAS 


WORK AREA KEY PLAN 


65th FLOOR SECTION A-A 
& PART RISER 


3£> oi 4i 



EDWARDS and ZUCK, P.C. 

CONSULTING ENGINEERS 

530 MM ttM^M^MM**. H* tOOM 
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THto 

LOW VOLTAGE D©Tl»mOM 

TWO WTC 

ELECTRICAL 
•6TH ft MTH tUXM 

WEST SHE 
ELECTRIC CLOSET PART PLAN 


Thia drowns wbjtct to zantukm in contract 

U^^iLu. lataWHB - J 

horain or* r— cvrf to Port Atf»o% w4 
foof not to (Mc4 •Kl>*ut )Po mMm coMtnL 


^CJ/CAPD MW/CAOO 


ChMmtf by 

Ma 10/4/93 Scoft |/<"l'-» 

Contract Mufntor Drovkto, MunWof 

WTC-804.041 E-19 
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